1 


SAMPLE RESULTS UPDATED 02/13/19 


LAB ID 

STATUS 

DATE 

SAMPLE ADDRESS 

SAMPLE 

LOCATION 

ANALYSIS 

BENZENE 

ONLY 

ANALYSIS 

WIDE 

SCAN VOC 

BENZENE (MCL 1) 

BROMOBENZENE 

BROMOCHLOROMETHANE 

BROMOMETHANE 

n-BUTYLBENZENE (NL 260) 

sec-BUTYLBENZENE (NL 260) 

tert-BUTYLBENZENE (NL260) 

CARBON TETRACHLORIDE (MCL 0.5) 

tert-Butanol(TBA) 

CHLOROBENZENE (MCL 70) 

CHLOROETHANE (NO MCL) 

CHLOROMETHANE (NO MCL) 

2-CHLO ROTOLUENE 

4-CHLO ROTOLUENE 

DIBROMOMETHANE 

1,2-DICHLOROBENZENE (MCL 600) 

1,3-DICHLOROBENZENE 

1,4-DICHLOROBENZENE (MCL 5) 

DICHLORODIFLUOROMETHANE 

1,1-DICHLOROETHANE (MCL 5) 

1,2-DICH LORO ETHANE (MCL 0.5) 

1,1-DICHLORO ETHYLENE (MCL 6) 

cis-l,2-DICHLOROETHYLENE (MCL 6) 

trans-1,2-DICH LORO ETHYLENE (MCL 10) 

1,2-DICH LORO PRO PANE (MCL 5) 

1,3-D ICH LORO PRO PANE 

DICHLOROMETHANE (MCL 5) 

2,2-D ICH LORO PRO PANE 

1,1-DICHLOROPROPENE 

1,3-DICHLOROPROPENE (TOTAL)(MCL 0.5) 

cis-l,3-DICHLOROPROPENE (MCL 0.5) 

trans-1,3-DICHLOROPROPENE (MCL 0.5) 

DI-ISOPROPYL ETHER (DIPE) 

ETHYLBENZENE (MCL 300) 

ETHYL tert-BUTYL ETHER (ETBE) 

HEXACHLOROBUTADIENE 

ISOPROPYLBENZENE (NL770) 

p-ISOPROPLYTOLUENE 

METHYL tert-BUTYL ETHER (MTBE) (MCL 13) 

NAPTHALENE (NL 17) 

n-PROPYLBENZENE (260) 

STYRENE (MCL 100) 

TERT-amyl-methyl ETHER (TAME) 

1,1,12-TETRACHLO RO ETHANE 

1,1,2,2-TETRACHLOROETHANE (MCL 1) 

TETRACHLOROETHYLENE (MCL 5) 

TOLUENE (MCL 150) 

1,2,3-TRICHLOROBENZENE 

1,2,4-TRICHLOROBENZENE (MCL 5) 

1,1,1-TRICHLOROETHANE (MCL 200) 

1,1,2-TRICHLOROETHANE (MCL 5) 

TRICHLOROETHYLENE (MCL 5) 

TRICHLOROFLUOROMETHANE 

1,2,4-TRIM ETHYLBENZENE (NL 330) 

1,3,5-TRIM ETHYLBENZENE (NL 330) 

VINYL CHLORIDE (MCL 0.5) 

XYLENES (TOTAL) (MCL 1750) 

XYLENES m,p (MCL 1750) 

XYLENES 0 (MCL 1750) 

RESULTS 

ZONE 

CL2 

FLUSHED 


SS-SAMPLE SITE 

TYPE OF SERVICE LINE 

MTR CONDITION 

LAB 

STREET NAME ONLY 


COMPLETE 

12/27/18 

A TANK 

SS 

X 






























































A 




SS-SAMPLE SITE 




A TANK 


COMPLETE 

12/27/18 

2 PUMPSTATION 

SS 

X 






























































A 




SS-SAMPLE SITE 




2 PUMPSTATION 


COMPLETE 

12/27/18 

C TANK 

SS 

X 






























































B 




SS-SAMPLE SITE 




C TANK 


COMPLETE 

12/27/18 

0 VALLEY VIEW/WAGON WHEEL 

SS 

X 






























































D 




SS-SAMPLE SITE 




VALLEY VIEW/WAGON W 


COMPLETE 

12/27/18 

0 REDBUD/PINEWOOD 

SS 

X 






























































E 




SS-SAMPLE SITE 




REDBUD/PINEWOOD 


COMPLETE 

12/27/18 

D TANK 

SS 

X 






























































C 




SS-SAMPLE SITE 




D TANK 


COMPLETE 

12/27/18 

ETANK 

SS 

X 






























































D 




SS-SAMPLE SITE 




ETANK 


COMPLETE 

12/27/18 

0 DEAN/SUBKE 

SS 

X 






























































A 




SS-SAMPLE SITE 




DEAN/SUBKE 


COMPLETE 

12/27/18 

2221 DEMILLE 

SS 

X 


1.1 




























































D 




SS-SAMPLE SITE 




DEMILLE 


COMPLETE 

01/11/19 

JUNCTION BOX 

J BOX 

X 






























































A 

1.03 







JUNCTION BOX 


COMPLETE 

01/11/19 

6304 LANCASTER 

SERVICE LINE 

X 


923 




























































B 




SVC, BURNT HOUSE 




LANCASTER 


COMPLETE 

01/11/19 

6486 APPLE CREEK 

SERVICE LINE 

X 






























































B 




SVC, BURNT HOUSE 




APPLE CREEK 


COMPLETE 

01/11/19 

1924 YORKTOWNE MNR 

SERVICE LINE 

X 






























































C 


X 


SVC, HOUSE STANDING 




YORKTOWNE MNR 


COMPLETE 

01/14/19 

0 HARRISON/DEMILLE HYD 

FHY 

X 






























































D 




FHY 




HARRISON/DEMILLE HYD 


COMPLETE 

01/14/19 

OSTEARNS/DEMILLE HYD 

FHY 

X 






























































D 




FHY 




STEARNS/DEMILLE HYD 


COMPLETE 

01/14/19 

0 PENTZ/DEL RIO HYD 

FHY 

X 






























































B 




FHY 




PENTZ/DEL RIO HYD 


COMPLETE 

01/14/19 

6470 PENTZ HYD 

FHY 

X 






























































B 




FHY 




PENTZ HYD 


COMPLETE 

01/14/19 

6674 PENTZ HYD 

FHY 

X 






























































A 




FHY 




PENTZ HYD 


COMPLETE 

01/14/19 

6118 CLARK HYD 

FHY 

X 






























































C 




FHY 




CLARK HYD 


COMPLETE 

01/14/19 

0 BIRCH/ALMOND HYD 

FHY 

X 






























































D 




FHY 




BIRCH/ALMOND HYD 


COMPLETE 

01/14/19 

0 HONEY RUN/TIPTON HYD 

FHY 

X 






























































D 




FHY 




HONEY RUN/TIPTON HYD 


COMPLETE 

01/14/19 

5900 OAKMORE HYD 

FHY 

X 






























































D 




FHY 




OAKMORE HYD 


COMPLETE 

01/14/19 

357 VALLEY VIEW HYD 

FHY 

X 






























































D 




FHY 




VALLEY VIEW HYD 


COMPLETE 

01/14/19 

270 PINEWOOD HYD 

FHY 

X 






























































E 




FHY 




PINEWOOD HYD 


COMPLETE 

01/14/19 

5821 ACORN RIDGE HYD 

FHY 

X 






























































E 




FHY 




ACORN RIDGE HYD 


COMPLETE 

01/14/19 

247 REDBUD HYD 

FHY 

X 






























































E 




FHY 




REDBUD HYD 


COMPLETE 

01/14/19 

5498 SKYWAY HYD 

FHY 

X 






























































E 




FHY 




SKYWAY HYD 


COMPLETE 

01/14/19 

0 SKYWAY/LONGVIEW HYD 

FHY 

X 






























































F 




FHY 




SKYWAY/LONGVIEW HYD 


COMPLETE 

01/22/19 

6210 SAWMILL EXT 

SERVICE LINE 


X 

1.6 







































6.8 


1.3 





0.7 


















SVC, BURNT HOUSE, ODOR, FULL VOIC 




SAWMILL EXT 


COMPLETE 

01/22/19 

6243 SAWMILL EXT 

SERVICE LINE 

X 


































































SVC, BURNT HOUSE, LITTLE ODOR 




SAWMILL EXT 


COMPLETE 

01/22/19 

6266 SAWMILL EXT 

SERVICE LINE 


X 

0.7 
































































SVC, BURNT HOUSE, LG AMT ODOR, FULL VOC 




SAWMILL EXT 


COMPLETE 

01/22/19 

1632 PARADISEWOOD 

SERVICE LINE 

X 


13.1 
































































SVC, BURNT HOUSE, NO ODOR 




PARADISEWOOD 


COMPLETE 

01/22/19 

1664 MUHLBERRY 

SERVICE LINE 

X 


1.1 
































































SVC, HOUSE STANDING, CLOUDY WATER, NO ODOR 




MUHLBERRY 


COMPLETE 

01/22/19 

1655 EAGLET 

SERVICE LINE 

X 


0.8 
































































SVC, BURNT HOUSE, NO ODOR 




EAGLET 


COMPLETE 

01/22/19 

1645 EAGLET 

SERVICE LINE 

X 


0.8 
































































SVC, BURNT HOUSE, NO ODOR 




EAGLET 


COMPLETE 

01/22/19 

1658 MUHLBERRY 

SERVICE LINE 

X 


0.8 
































































SVC, BURNT HOUSE, CLOUDY WATER, NO ODOR 




MUHLBERRY 


COMPLETE 

01/22/19 

6304 LANCASTER 

SERVICE LINE 


X 

379 









1 
























22.8 






278 

0.8 

30 





86 







0.7 



17 

9.3 

7.7 




X 


SVC, BURNT HOUSE, REPEAT SAMPLE, BAD ODOR, FULL 

VOC 




LANCASTER 


COMPLETE 

01/22/19 

6334 LANCASTER 

SERVICE LINE 

X 
































































X 


SVC, BURNT HOUSE, NO ODOR 




LANCASTER 


COMPLETE 

01/22/19 

6224 LANCASTER HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




LANCASTER HYD 


COMPLETE 

01/22/19 

6358 LANCASTER HYD 

HYD 

X 


2.3 






























































X 


FHY, HOUSE STANDING, NO ODOR 




LANCASTER HYD 


COMPLETE 

01/22/19 

6304 LANCASTER HYD 

HYD 


X 

17.3 

































1.4 






4.1 


3.3 





5.2 
















X 


FHY, BURNT HOUSE, NO ODOR, FULL VOC 




LANCASTER HYD 


COMPLETE 

01/22/19 

6384 LANCASTER 

SERVICE LINE 

X 
































































X 


SVC, BURNT HOUSE, NO ODOR 




LANCASTER 


COMPLETE 

01/22/19 

6274 LANCASTER 

SERVICE LINE 

X 


5 






























































X 


SVC, BURNT HOUSE, NO ODOR 




LANCASTER 


COMPLETE 

01/22/19 

6641 NEDRY 

SERVICE LINE 

X 


0.6 
































































SVC, SPLIT SERV-1 BURNT, 1 STANDING-2 SVCSHOUSE 
SPOKE TO OWNER, NO ODOR 




NEDRY 


COMPLETE 

01/22/19 

1796 CHRIS CT 

SERVICE LINE 

X 


































































SVC, BURNT HOUSE, NO ODOR 




CHRIS CT 


COMPLETE 

01/22/19 

162 E SUTTER 

HOSE BIB 

X 


































































HOSE BIB, ONE BURNT HOUSE-ONE STANDING, NO ODOR 




E SUTTER 


COMPLETE 

01/22/19 

280 OAK SPRING 

HOSE BIB 

X 


































































HOSE BIB, BURNT SHOP, HOUSE STANDING SPOKE TO 

OWNER, NO ODOR 




OAK SPRING 


COMPLETE 

01/22/19 

5450 SAWMILL 

SERVICE LINE 

X 


































































SVC, BURNT HOUSE, NO ODOR 




SAWMILL 


COMPLETE 

01/23/19 

6225 LANCASTER 

SERVICE LINE 

X 


2.5 






























































X 


SVC, HOUSE STANDING, SPOKE TO OWNER, NO ODOR 




LANCASTER 


COMPLETE 

01/24/19 

1924 YORKTOWNE MNR 

SERVICE LINE 


X 































































X 


SVC, HOUSE STANDING, SECOND SAMPLE, NO SMELL, 

FULL VOC, FLUSHED/SAMPLE LESS THAN 24 HOURS 




YORKTOWNE MNR 


COMPLETE 

01/24/19 

1909 YORKTOWNE MNR 

SERVICE LINE 

X 


1 






























































X 


MTR, HOUSE BURNT, NO SMELL 




YORKTOWNE MNR 


COMPLETE 

01/24/19 

1969 YORKTOWNE MNR 

SERVICE LINE 


X 

118 









2.6 







1 

















5.8 



0.6 




0.9 

21.8 





34.8 







0.5 



7 

4.2 

2.8 




X 


SVC, BURNT HOUSE, BAD ODOR, FULL VOC 




YORKTOWNE MNR 


COMPLETE 

01/24/19 

0 YORKTOWNE MNR HYD 

HYD 


X 

2.6 







































0.6 







0.9 
















X 


FHY, BURNT, SOME ODOR, FULL VOC 




YORKTOWNE MNR HYD 


COMPLETE 

01/24/19 

0 PENTZ/FEATHER RVR PL HYD 

HYD 

X 


































































FHY, NO SMELL 




PENTZ/FEATHER RVR PL F 


COMPLETE 

01/28/19 

3821 SKYWAY CROSSROAD HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY CROSSROAD HYC 


COMPLETE 

01/28/19 

4780 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

249 PACIFIC 

SERVICE LINE 

X 
































































X 


SVC, BURNT, NO ODOR 




PACIFIC 


COMPLETE 

01/28/19 

250 PACIFIC HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




PACIFIC HYD 


COMPLETE 

01/28/19 

5311 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

5498 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

5550 SKYWAY 

SERVICE LINE 

X 


4.9 






























































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

5795 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

5848 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

35 PEARSON 

SERVICE LINE 

X 
































































X 


SVC, AIR, RUSTY, FAINT ODOR UNKNOWN 




PEARSON 


COMPLETE 

01/28/19 

45 PEARSON 

SERVICE LINE 

X 
































































X 


SVC, AIR, FAINT ODOR GASOLINE 




PEARSON 


COMPLETE 

01/28/19 

153 PEARSON HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




PEARSON HYD 


COMPLETE 

01/28/19 

5734 BLACK OLIVE 

SERVICE LINE 

X 
































































X 


SVC, AIR BUBBLES, NO ODOR 




BLACK OLIVE 
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SAMPLE RESULTS UPDATED 02/13/19 



COMPLETE 

01/28/19 

5729 ALMOND 

SERVICE LINE 

X 
































































X 


SVC, AIR, FAINT ODOR UNKNOWN 




ALMOND 


COMPLETE 

01/28/19 

6311 SKYWAY HYD 

HYD 

X 
































































X 


FHY, AIR, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

627 BOQUEST 

SERVICE LINE 

X 
































































X 


SVC, FAINT ODOR UNKNOWN 




BOQUEST 


COMPLETE 

01/28/19 

6371 SKYWAY HYD 

HYD 

X 
































































X 


FHY, RUSTY, POSSIBLE ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

6345 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, AIR, FAINT ODOR UNKNOWN 




SKYWAY 


COMPLETE 

01/28/19 

684 ELLIOT EXT 

SERVICE LINE 

X 
































































X 


SVC, AIR, FAINT ODOR UNKNOWN 




ELLIOT EXT 


COMPLETE 

01/28/19 

6490 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

6626 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

6717 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

6799 SKYWAY 

BCKFLW 

X 
































































X 


BCKFLOW DEVICE, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

6929 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

7015 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

7300 SKYWAY 

SERVICE LINE 

X 
































































X 


BCKFLOW DEVICE, NO ODOR, AIR 




SKYWAY 


COMPLETE 

01/28/19 

7334 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

7576 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

7575 SKYWAY 

BCKFLW 

X 
































































X 


BCKFLOW DEVICE, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

7686 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

7816 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

7856 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

1020 GREEN TREE 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




GREEN TREE 


COMPLETE 

01/28/19 

1030 GREEN TREE 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




GREEN TREE 


COMPLETE 

01/28/19 

8095 SKYWAY HYD 

HYD 

X 
































































X 


FHY, AIR, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

8226 SKYWAY 

BCKFLW 

X 
































































X 


BACKFLW, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

0 WAGSTAFF @ BIKE PATH HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




WAGSTAFF @ BIKE PATH 


COMPLETE 

01/28/19 

1099 WAGSTAFF 

SERVICE LINE 

X 
































































X 


SVC, AIR, ODOR 




WAGSTAFF 


COMPLETE 

01/28/19 

8471 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

1197 ARLENE HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




ARLENE HYD 


COMPLETE 

01/28/19 

8566 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

6560 FIRLAND HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




FIRLAND HYD 


COMPLETE 

01/28/19 

8680 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

8710 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

8841 SKYWAY 

SERVICE LINE 

X 


17.8 






























































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

8846 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

8912 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

9034 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

9034 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC,STANDING VACANT HOME, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

9101 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/28/19 

9101 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

9172 SKYWAY 

SERVICE LINE 

X 
































































X 


SVC, NO ODOR 




SKYWAY 


COMPLETE 

01/28/19 

9190 SKYWAY HYD 

HYD 

X 
































































X 


FHY, NO ODOR 




SKYWAY HYD 


COMPLETE 

01/29/19 

1653 GATE LN 

SERVICE LINE 

X 
































































X 


SVC, BURNT HOUSE, NO ODOR 




GATE LN 


COMPLETE 

01/29/19 

1639 GATE LN 

SERVICE LINE 

X 
































































X 


SVC, BURNT HOUSE, NO ODOR 




GATE LN 


COMPLETE 

01/29/19 

1593 GATE LN 

SERVICE LINE 

X 
































































X 


SVC, BURNT HOUSE, NO ODOR 




GATE LN 


COMPLETE 

01/29/19 

1755 ARANY 

SERVICE LINE 

X 


3.6 






























































X 


SVC, BURNT HOUSE, NO ODOR 




ARANY 


COMPLETE 

01/29/19 

1718 ARANY 

SERVICE LINE 

X 


16.8 






























































X 


SVC, BURNT HOUSE, NO ODOR 




ARANY 


COMPLETE 

01/29/19 

0 APPLE VIEW HYD 

HYD 

X 
































































X 


FHY, AIR, NO ODOR 




APPLE VIEW HYD 


COMPLETE 

01/29/19 

1825 APPLE VIEW 

SERVICE LINE 

X 
































































X 


SVC, BURNT HOUSE, NO ODOR, BURNT METER BOX 




APPLE VIEW 


COMPLETE 

01/29/19 

1820 CHRIS CT 

SERVICE LINE 

X 
































































X 


SVC, HOUSE STANDING, NO ODOR, SVC BOX BURNT 




CHRIS CT 


COMPLETE 

01/30/19 

1660 ASPEN 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




ASPEN 


COMPLETE 

01/30/19 

6730 BELLEVIEW 

SERVICE LINE 



0.7 






























































X 


SVC, BURNT HOUSE, NO ODOR 




BELLEVIEW 


COMPLETE 

01/30/19 

6726 BELLEVIEW 

SERVICE LINE 



0.7 






























































X 


SVC, BURNT HOUSE, NO ODOR 




BELLEVIEW 


COMPLETE 

01/30/19 

6705 BELLEVIEW 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




BELLEVIEW 


COMPLETE 

01/30/19 

8983 SKYWAY 

SERVICE LINE 



0.7 






























































X 


SVC, BURNT BUSINESS, NO ODOR 




SKYWAY 


COMPLETE 

01/30/19 

1797 EL TORO 

SERVICE LINE 



40.1 






























































X 


SVC, BURNT HOUSE, NO ODOR 




EL TORO 


COMPLETE 

01/30/19 

1794 EL TORO 

SERVICE LINE 



81 






























































X 


SVC, BURNT HOUSE, NO ODOR 




EL TORO 


COMPLETE 

01/30/19 

6894 ZENITH 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




ZENITH 


COMPLETE 

01/30/19 

6914 ZENITH 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




ZENITH 


COMPLETE 

01/30/19 

1833 DEAN RD 

SERVICE LINE 

































































X 


SVC, HOUSE STANDING, NO ODOR 




DEAN RD 


COMPLETE 

01/31/19 

7216 ELYSEE 

SERVICE LINE 



8.3 






























































X 


SVC, VAC PARCEL-NO STRUCTURE, NO ODOR 




ELYSEE 


COMPLETE 

01/31/19 

6720 BARNABY 

SERVICE LINE 



0.7 






























































X 


SVC, BURNT HOUSE, NO ODOR 




BARNABY 


COMPLETE 

01/31/19 

6564 CENTERPINE DR 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




CENTERPINE DR 


COMPLETE 

01/31/19 

6565 CENTERPINE DR 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




CENTERPINE DR 


COMPLETE 

01/31/19 

6620 PENTZ RD 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




PENTZ RD 


COMPLETE 

01/31/19 

1546 BOYDEN 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




BOYDEN 


COMPLETE 

01/31/19 

1536 BOYDEN 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




BOYDEN 


COMPLETE 

01/31/19 

1402 ANDREA 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




ANDREA 


COMPLETE 

01/31/19 

1409 ANDREA 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




ANDREA 


COMPLETE 

01/31/19 

2221 DE MILLE SS 

SS 


X 

1.1 






























































X 


SS, AIR, NO ODOR 




DE MILLE SS 


COMPLETE 

01/31/19 

C TANK 

SS 

































































X 


SS, NO ODOR 




C TANK 


COMPLETE 

01/31/19 

0 REDBUD/PINEWOOD 

SS 

































































X 


SS, NO ODOR 




REDBUD/PINEWOOD 


COMPLETE 

02/01/19 

7156 CLARK 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




CLARK 


COMPLETE 

02/01/19 

7057 CLARK 

SERVICE LINE 



86 






























































X 


SVC, BURNT HOUSE, NO ODOR 




CLARK 


COMPLETE 

02/01/19 

6961 CLARK 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




CLARK 


COMPLETE 

02/01/19 

1636 FRANKE 

SERVICE LINE 



2.3 






























































X 


SVC, BURNT HOUSE, NO ODOR, DIRTY FLUSHED 75 ML 




FRANKE 



3 


SAMPLE RESULTS UPDATED 02/13/19 



COMPLETE 

02/01/19 

6980 CLARK 

SERVICE LINE 

































































X 


SVC, UNABLE TO SEE HOUSE?, NO ODOR 




CLARK 


COMPLETE 

02/01/19 

1629 EAGLET 

SERVICE LINE 



0.5 






























































X 


SVC, BURNT HOUSE, NO ODOR 




EAGLET 


COMPLETE 

02/01/19 

7020 CLARK 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




CLARK 


COMPLETE 

02/01/19 

1508 FOREST SERV 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR, DIRTY FLUSHED 75 ML 




FOREST SERV 


COMPLETE 

02/01/19 

1681 MERRILL 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




MERRILL 


COMPLETE 

02/01/19 

1758 MERRILL 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




MERRILL 


COMPLETE 

02/01/19 

1823 MERRILL 

SERVICE LINE 



24.4 






























































X 


SVC, BURNT HOUSE, NO ODOR 




MERRILL 


COMPLETE 

02/01/19 

1848 DEAN RD 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




DEAN RD 


COMPLETE 

02/01/19 

1867 DEAN RD 

SERVICE LINE 

































































X 


SVC, BURNT HOUSE, NO ODOR 




DEAN RD 


COMPLETE 

02/04/19 

1587 BILLE 

SERVICE LINE 


X 

0.6 






























































X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

6256 PEBBLE LN 

SERVICE LINE 


X 

410 




1.4 





5 






0.5 


















24.6 






42.1 

3.7 

10.4 





90 







3.2 

1.3 


70 

18.4 

50 




X 


SVC, BURNT HOUSE, NO ODOR 




PEBBLE LN 


COMPLETE 

02/04/19 

6187 BILLE HYD 

HYD 


X 































































X 


FHY, NO ODOR 




BILLE HYD 


COMPLETE 

02/04/19 

1646 BILLE 

SERVICE LINE 


X 

0.8 






























































X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

1683 BILLE 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

6160 ERIKA 

SERVICE LINE 


X 

1.8 






























































X 


SVC, BURNT HOUSE, NO ODOR, CLOUDY 




ERIKA 


COMPLETE 

02/04/19 

1706 BILLE 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

0 BILLE RV STORAGE 

SERVICE LINE 


X 

1.2 






























































X 


SVC, BURNT, NO ODOR, CLOUDY 




BILLE RV STORAGE 


COMPLETE 

02/04/19 

1448 BILLE 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

6177 SAWMILL 

SERVICE LINE 


X 

2.9 

































1.1 






25 


0.6 





1.9 
















X 


SVC, BURNT HOUSE, NO ODOR 




SAWMILL 


COMPLETE 

02/04/19 

1530 CRYSTAL 

SERVICE LINE 


X 

2 







































2.8 























X 


SVC, BURNT HOUSE, NO ODOR 




CRYSTAL 


COMPLETE 

02/04/19 

6186 BILLE HYD 

HYD 


X 

ND 







































0.7 























X 


FHY, NO ODOR 




BILLE HYD 


COMPLETE 

02/04/19 

1550 BILLE 

SERVICE LINE 


X 

4.4 

































2 






1.1 


0.8 





2.9 










0.6 

0.6 





X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

6211 FOREST 

SERVICE LINE 


X 

1.2 







































4 























X 


SVC, BURNT HOUSE, NO ODOR 




FOREST 


COMPLETE 

02/04/19 

6220 FOREST 

SERVICE LINE 


X 

5.1 







































0.9 























X 


SVC, BURNT HOUSE, NO ODOR 




FOREST 


COMPLETE 

02/04/19 

6404 BILLE 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

1349 BILLE 

SERVICE LINE 


X 

4.3 

































1.6 













4.2 










3.3 

2.1 

1.2 




X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

1393 BILLE 

SERVICE LINE 


X 

13.5 

































1.3 








1.3 





2.1 










3 

1.8 

1.2 




X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

1401 BILLE 

SERVICE LINE 


X 

12.9 

































1.4 








1.3 





2.4 










3.2 

1.9 

1.3 




X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

1433 BILLE 

SERVICE LINE 


X 

9 






























































X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

1461 BILLE 

SERVICE LINE 


X 

160 

































2 








1.7 





21.6 










4.3 

2.4 

1.9 




X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

1495 BILLE 

SERVICE LINE 


X 

7.2 

































1.3 













2.1 










3.2 

2 

1.2 




X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

1340 BILLE HYD 

HYD 


X 































































X 


FHY, NO ODOR 




BILLE HYD 


COMPLETE 

02/04/19 

6180 MAINORD 

SERVICE LINE 


X 

1.1 

































1.3 






1.3 







0.7 










1.8 

1.8 





X 


SVC, BURNT HOUSE, NO ODOR 




MAINORD 


COMPLETE 

02/04/19 

6181 MAINORD 

SERVICE LINE 


X 

1.2 




























































A 


X 


SVC, BURNT HOUSE, NO ODOR 




MAINORD 


COMPLETE 

02/04/19 

6165 NORTH LIBBY 

SERVICE LINE 


X 

21.6 

































1.7 






21.7 


1.9 





8.3 










3.6 

2.3 

1.3 


A 


X 


SVC, BURNT HOUSE, NO ODOR 




NORTH LIBBY 


COMPLETE 

02/04/19 

6176 NORTH LIBBY 

SERVICE LINE 


X 





























































A 


X 


SVC, BURNT HOUSE, NO ODOR 




NORTH LIBBY 


COMPLETE 

02/04/19 

1428 BILLE 

SERVICE LINE 


X 

1.1 




























































A 


X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

1480 BILLE 

SERVICE LINE 


X 

13.5 

































1.3 













2.1 














A 


X 


SVC, BURNT HOUSE, NO ODOR 




BILLE 


COMPLETE 

02/04/19 

0 BILLE/SAWMILL HYD 

HYD 


X 





























































A 


X 


FHY, NO ODOR 




BILLE/SAWMILL HYD 


COMPLETE 

02/04/19 

6561 ROCKY 

SERVICE LINE 

X 






























































A 


X 


SVC, BURNT HOUSE, NO ODOR 




ROCKY 


COMPLETE 

02/04/19 

6517 ROCKY 

SERVICE LINE 

X 






























































A 


X 


SVC, BURNT HOUSE, NO ODOR 




ROCKY 


COMPLETE 

02/04/19 

6481 ROCKY 

SERVICE LINE 

X 






























































A 


X 


SVC, BURNT HOUSE, NO ODOR 




ROCKY 


COMPLETE 

02/04/19 

1315 BARTOK 

SERVICE LINE 

X 






























































A 


X 


SVC, BURNT HOUSE, NO ODOR 




BARTOK 


COMPLETE 

02/06/19 

1924 YORKTOWN 

SERVICE LINE 


X 

1 




























































A 




SVC, HOUSE STANDING, 3RD SAMPLE , FULL VOC, NO 

ODOR 




YORKTOWN 


COMPLETE 

02/06/19 

6628 PENTZ 

SERVICE LINE 































































A 


X 


SVC, NO ODOR 




PENTZ 


COMPLETE 

02/06/19 

6644 PENTZ 

SERVICE LINE 































































A 


X 


SVC, NO ODOR 




PENTZ 


COMPLETE 

02/06/19 

1841 MERRILL 

SERVICE LINE 































































A 


X 


SVC, NO ODOR 




MERRILL 


COMPLETE 

02/06/19 

1851 MERRILL 

SERVICE LINE 































































A 


X 


SVC, NO ODOR 




MERRILL 


COMPLETE 

02/06/19 

1860 MERRILL 

SERVICE LINE 































































A 


X 


SVC, NO ODOR 




MERRILL 


COMPLETE 

02/06/19 

1873 MERRILL 

SERVICE LINE 



2.3 




























































A 


X 


SVC, NO ODOR 




MERRILL 


COMPLETE 

02/06/19 

6695 SHAY 

SERVICE LINE 































































A 


X 


SVC, NO ODOR 




SHAY 


COMPLETE 

02/06/19 

6692 SHAY 

SERVICE LINE 































































A 


X 


SVC, NO ODOR 




SHAY 


COMPLETE 

02/06/19 

6689 SHAY 

SERVICE LINE 































































A 


X 


SVC, NO ODOR, VERY SLIGHT AIR 




SHAY 


COMPLETE 

02/06/19 

6688 SHAY 

SERVICE LINE 































































A 


X 


SVC, NO ODOR 




SHAY 


COMPLETE 

02/06/19 

6685 SHAY 

SERVICE LINE 































































A 


X 


SVC, STANDING HOUSE, NO ODOR 




SHAY 


COMPLETE 

02/06/19 

6684 SHAY 

SERVICE LINE 































































A 


X 


SVC, NO ODOR 




SHAY 


COMPLETE 

02/06/19 

6456 ROCKY 

SERVICE LINE 































































A 


X 


SVC, BURNT HOUSE, NO ODOR 




ROCKY 


COMPLETE 

02/06/19 

1301 SEQUOIA 

SERVICE LINE 































































A 


X 


SVC, BURNT HOUSE, NO ODOR 




SEQUOIA 


COMPLETE 

02/06/19 

1318 SEQUOIA 

SERVICE LINE 































































A 


X 


SVC, BURNT HOUSE, NO ODOR 




SEQUOIA 


COMPLETE 

02/06/19 

1344 SEQUOIA 

SERVICE LINE 































































A 


X 


SVC, BURNT HOUSE, NO ODOR 




SEQUOIA 


COMPLETE 

02/06/19 

1335 SEQUOIA 

SERVICE LINE 































































A 


X 


SVC, BURNT HOUSE, NO ODOR 




SEQUOIA 


COMPLETE 

02/06/19 

6467 LONE CEDAR 

SERVICE LINE 































































A 


X 


SVC, BURNT HOUSE, NO ODOR 




LONE CEDAR 


COMPLETE 

02/06/19 

6479 LONE CEDAR 

SERVICE LINE 



11.6 




























































A 


X 


SVC, BURNT HOUSE, NO ODOR 




LONE CEDAR 


COMPLETE 

02/06/19 

8697 SKYWAY 

SERVICE LINE 



0.9 




























































A 


X 


SVC, BURNT HOUSE, NO ODOR 




SKYWAY 


COMPLETE 

02/11/19 

A TANK 

SS 


X 

ND 

























































0.8 





X 


SS, NO ODOR 




A TANK 


COMPLETE 

02/11/19 

8439 MONTNA 

SS 


X 

1.3 






























































X 


SS, NO ODOR 




MONTNA 


COMPLETE 

02/11/19 

C TANK 

SS 


X 































































X 


SS, NO ODOR 




C TANK 


COMPLETE 

02/11/19 

0 REDBUD/PINEWOOD 

SS 


X 































































X 


SS, NO ODOR 




REDBUD/PINEWOOD 


COMPLETE 

02/11/19 

0 VALLEY VIEW/WAGON WHEEL 

SS 


X 































































X 


SS, NO ODOR 




VALLEY VIEW/WAGON W 


COMPLETE 

02/11/19 

ETANK 

SS 


X 































































X 


SS, NO ODOR 




ETANK 


COMPLETE 

02/11/19 

3284 NEAL 

SS 


X 































































X 


SS, NO ODOR 




NEAL 


COMPLETE 

02/11/19 

3936 NEAL 

SS 


X 

0.6 






























































X 


SS, NO ODOR 




NEAL 


COMPLETE 

02/11/19 

D TANK 

SS 


X 































































X 


SS, NO ODOR 




D TANK 


COMPLETE 

02/11/19 

0 DEAN AND SUBKE 

SS 


X 































































X 


SS, NO ODOR 




DEAN AND SUBKE 




























































































































































































































































































































4 


SAMPLE RESULTS UPDATED 02/13/19 



COMPLETE 

02/11/19 

#2 PUMPSTATION 

ss 


X 































































X 


SS, NO ODOR 




PUMPSTATION 


COMPLETE 

02/11/19 

858 CENTRAL PARK 

ss 


X 































































X 


SS, NO ODOR 




CENTRAL PARK 


COMPLETE 

02/11/19 

1640 YOUNG 

ss 


X 































































X 


SS, NO ODOR 




YOUNG 


COMPLETE 

02/11/19 

5678 SAWMILL 

ss 


X 































































X 


SS, NO ODOR 




SAWMILL 


COMPLETE 

02/11/19 

2221 DEMILLE 

ss 


X 































































X 


SS, NO ODOR 




DEMILLE 


COMPLETE 

02/11/19 

5247 SOUTH LIBBY 

ss 


X 































































X 


SS, NO ODOR 




SOUTH LIBBY 


COMPLETE 

02/11/19 

0 NATURES WAY & OLD CLARK 

ss 


X 































































X 


SS, NO ODOR 




NATURES WAY & OLD CL/ 


COMPLETE 

02/11/19 

0 FOSTER & WIRTH 

ss 


X 































































X 


SS, NO ODOR 




FOSTER & WIRTH 


COMPLETE 

02/11/19 

1755 ARANY 

ss 


X 

3.4 







































0.8 







0.8 
















X 


SVC, BURNT HOUSE, CLOUDY WATER, NO ODOR 




ARANY 


COMPLETE 

02/11/19 

1980 YORK TOWNE MNR 

ss 


X 

9.4 




0.8 

0.8 




























1.4 



1 





1.1 





1.6 







0.8 



2.9 

1.8 

1.1 




X 


SVC, HOUSE STANDING, CLOUDY WATER, NO ODOR 




YORK TOWNE MNR 


COMPLETE 

02/14/19 

9034 SKYWAY 1ST DRAW HYD 

HYD 


X 































































X 

X 

FHY, NO ODOR, CLOUDY 




SKYWAY 1ST DRAW HYD 


COMPLETE 

02/14/19 

9034 SKYWAY 2ND DRAW HYD 

HYD 


X 































































X 

X 

FHY, NO ODOR 




SKYWAY 2ND DRAW HYD 


COMPLETE 

02/14/19 

0 PENTZ/YORK TOWN MNR 1ST DRAW HYD 

HYD 


X 































































X 

X 

FHY, NO ODOR 




PENTZ/YORK TOWN MNR 


COMPLETE 

02/14/19 

0 PENTZ/YORK TOWN MNR 2ND DRAW HYD 

HYD 


X 































































X 

X 

FHY, NO ODOR 




PENTZ/YORK TOWN MNR 


COMPLETE 

02/14/19 

6480 APPLE CREEK 

SERVICE LINE 


X 
































































X 

MTR, HOUSE STANDING, GARAGE BURNT, NO ODOR 




APPLE CREEK 


COMPLETE 

02/14/19 

0 MUHLBERRY BLOW OFF 

BO 


X 































































X 

X 

FHY, NO ODOR 




MUHLBERRY BLOW OFF 


COMPLETE 

02/14/19 

0 MUHLBERRY 1ST DRAW HYD 

HYD 


X 































































X 

X 

FHY, NO ODOR 




MUHLBERRY 1ST DRAW F 


COMPLETE 

02/14/19 

0 MUHLBERRY 2ND DRAW HYD 

HYD 


X 





































































MUHLBERRY 2ND DRAW 1 


COMPLETE 

02/15/19 

0 YORK TOWNE MNR BLOW OFF 

BO 


X 

3.1 

































1.2 



1.1 



1.6 


1.1 





1.7 










2.8 

1.8 

1 






BO, NO ODOR 




YORK TOWNE MNR BLOV\ 


COMPLETE 

02/15/19 

0 YORK TOWNE MNR 1ST DRAW HYD 

HYD 


X 

8.9 

































1.6 



1.2 



1.5 


1.2 





1.8 










3 

1.9 

1.1 






FHY, NO ODOR 




YORK TOWNE MNR 1ST D 


COMPLETE 

02/15/19 

0 YORK TOWNE MNR 2ND DRAW HYD 

HYD 


X 

6.2 

































1.3 



1.1 



1.6 

















2.8 

1.8 

1 






FHY, NO ODOR 




YORK TOWNE MNR 2ND [ 


COMPLETE 

02/22/19 

JUNCTION BOX 

J BOX 


X 





































































JUNCTION BOX 


COMPLETE 

02/22/19 

5781 KENGLO 

SERVICE LINE 


X 

2.8 
































































SVC, BURNT HOUSE, NO ODOR 




KENGLO 


COMPLETE 

03/01/19 

871 BIG SKY 

SERVICE LINE 


X 
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X 


SVC, BURNT HOUSE, NO ODOR 

COP 

DAMAGED 

CRANMER 

JOSEPH CT 


COMPLETE 

03/07/19 

2361 JOSEPH CT 

SERVICE LINE 


X 

180 









0.9 


6.2 






















4.4 






3.3 


13 





41 









0.7 


1.7 

1.3 




X 


SVC, BURNT HOUSE, NO ODOR 

COP 

GOOD 

CRANMER 

JOSEPH CT 


COMPLETE 

03/07/19 

2364 JOSEPH CT 

SERVICE LINE 


X 

5.7 







































0.78 







1.4 
















X 


SVC, BURNT HOUSE, NO ODOR 

COP 

DAMAGED 

CRANMER 

JOSEPH CT 


COMPLETE 

03/07/19 

2358 JOSEPH CT 

SERVICE LINE 


X 

6.2 











0.6 




























0.65 







1.5 
















X 


SVC, BURNT HOUSE, NO ODOR 

COP 

DAMAGED 

CRANMER 

JOSEPH CT 


COMPLETE 

03/07/19 

0 JOSEPH CT BLOW OFF 

BO 


X 

17 











1 




























0.59 







4.1 
















X 


BO 

PVC 


CRANMER 

JOSEPH CT BLOW OFF 


COMPLETE 

03/07/19 

2213 RICHMOND RD 1ST DRAW HYD 

HYD 


X 































































X 


FHY, NO ODOR 



CRANMER 

RICHMOND RD 1ST DRAV\ 


COMPLETE 

03/07/19 

2213 RICHMOND RD 2ND DRAW HYD 

HYD 


X 

ND 






























































X 


FHY, NO ODOR 



CRANMER 

RICHMOND RD 2ND DRAV 


COMPLETE 

03/07/19 

2212 RICHMOND RD 

SERVICE LINE 


X 

2 







































0.57 







0.7 
















X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

CRANMER 

RICHMOND RD 


COMPLETE 

03/07/19 

2216 RICHMOND RD 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

CRANMER 

RICHMOND RD 


COMPLETE 

03/07/19 

2213 RICHMOND RD 

SERVICE LINE 


X 

1.8 






























































X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

CRANMER 

RICHMOND RD 


COMPLETE 

03/07/19 

2220 RICHMOND RD 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

CRANMER 

RICHMOND RD 


COMPLETE 

03/07/19 

2217 RICHMOND RD 

SERVICE LINE 


X 

2.1 






























































X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

CRANMER 

RICHMOND RD 


COMPLETE 

03/07/19 

2213 RICHMOND RD BLOWOFF 

BO 


X 































































X 


BO 

COP 


CRANMER 

RICHMOND RD BLOWOFF 


COMPLETE 

03/07/19 

83 GRINDING ROCK RD 1ST DRAW HYD 

HYD 


X 































































X 


FHY, NO ODOR, FILM ON WATER 

STL 


CRANMER 

GRINDING ROCK RD 1ST E 


COMPLETE 

03/07/19 

83 GRINDING ROCK RD 2ND DRAW HYD 

HYD 


X 































































X 


FHY, NO ODOR 

STL 


CRANMER 

GRINDING ROCK RD 2ND 


COMPLETE 

03/07/19 

79 GRINDING ROCK RD 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR, FILM, AIR 

COP 

GOOD 

CRANMER 

GRINDING ROCK RD 


COMPLETE 

03/07/19 

78 GRINDING ROCK RD 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR, FILM, AIR 

COP 

DAMAGED 

CRANMER 

GRINDING ROCK RD 


COMPLETE 

03/07/19 

76 GRINDING ROCK RD 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR, FILM, AIR 

COP 

DAMAGED 

CRANMER 

GRINDING ROCK RD 


COMPLETE 

03/07/19 

O GRINDING ROCK RD BLOW OFF END 

BO 


X 































































X 


BO, AIR, DIRT 

PVC 


CRANMER 

GRINDING ROCK RD BLOV 


COMPLETE 

03/07/19 

34 WAYLAND 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

CRANMER 

WAYLAND 
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COMPLETE 

03/07/19 

25 WAYLAND 

SERVICE LINE 


X 































































X 


FHY, NO ODOR 

COP 

GOOD 

CRANMER 

WAYLAND 


COMPLETE 

03/07/19 

34 WAYLAND 1ST DRAW HYD 

HYD 


X 































































X 


FHY, NO ODOR 

STL 


CRANMER 

WAYLAND 1ST DRAW HY[ 


COMPLETE 

03/07/19 

34 WAYLAND 2ND DRAW HYD 

HYD 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

STL 


CRANMER 

WAYLAND 2ND DRAW HY 


COMPLETE 

03/07/19 

46 WAYLAND 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

COP 

GOOD 

CRANMER 

WAYLAND 


COMPLETE 

03/07/19 

58 WAYLAND 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

COP 

GOOD 

CRANMER 

WAYLAND 


COMPLETE 

03/07/19 

70 WAYLAND 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 


CRANMER 

WAYLAND 


COMPLETE 

03/07/19 

70 WAYLAND 1ST DRAW HYD 

HYD 


X 































































X 


FHY, NO ODOR, AIR 

STL 


CRANMER 

WAYLAND 1ST DRAW HY[ 


COMPLETE 

03/07/19 

70 WAYLAND 2ND DRAW HYD 

HYD 


X 































































X 


FHY, NO ODOR, AIR 

STL 


CRANMER 

WAYLAND 2ND DRAW HY 


COMPLETE 

03/07/19 

1554 SYLVAN 

SERVICE LINE 


X 































































X 


SVC, STANDING HOUSE, NO ODOR 



CRANMER 

SYLVAN 


COMPLETE 

03/15/19 

7216 ELYSEE 

SERVICE LINE 


X 

16.7 

































2.4 






4.8 


2.8 





9.5 










2.3 

1.5 

0.8 




X 


SVC, BURNT HOUSE, NO ODOR, retest 

STL 

GOOD 

FGL 

ELYSEE 


COMPLETE 

03/15/19 

1755 ARANY 

SERVICE LINE 


X 

1.7 






























































X 



STL 

GOOD 

FGL 

ARANY 


COMPLETE 

03/15/19 

1718 ARANY 

SERVICE LINE 


X 

ND 

































0.9 













1 
















X 


SVC, BURNT HOUSE, NO ODOR 

STL 

GOOD 

FGL 

ARANY 


COMPLETE 

03/15/19 

1797 EL TORO 

SERVICE LINE 


X 

5.2 






























































X 


SVC, BURNT HOUSE, NO ODOR 

PVC 

GOOD 

FGL 

EL TORO 


COMPLETE 

03/15/19 

1794 EL TORO 

SERVICE LINE 


X 

14.2 

































0.6 













3.8 










0.6 

0.6 





X 


SVC, BURNT HOUSE, NO ODOR 

PVC 

GOOD 

FGL 

EL TORO 


COMPLETE 

03/15/19 

1632 PARADISEWOOD 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

COP 

GOOD 

FGL 

PARADISEWOOD 


COMPLETE 

03/15/19 

1823 MERRILL 

SERVICE LINE 


X 

20.2 

































1 















0.9 








2.4 

0.09 

1.5 




X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 


FGL 

MERRILL 


COMPLETE 

03/15/19 

1873 MERRILL RD 

SERVICE LINE 


X 

0.6 






























































X 


SVC, BURNT HOUSE, NO ODOR 

COP 

GOOD 

FGL 

MERRILL RD 


COMPLETE 

03/15/19 

6165 NORTH LIBBY 

SERVICE LINE 


X 

7.8 







































7.25 







3.7 
















X 


SVC, BURNT HOUSE, NO ODOR 

COP 

GOOD 

FGL 

NORTH LIBBY 


COMPLETE 

03/15/19 

5550 SKYWAY 

SERVICE LINE 


X 

1.3 






























































X 


SVC, BURNT HOUSE, NO ODOR 

STL 

DAMAGED 

FGL 

SKYWAY 


COMPLETE 

03/15/19 

8841 SKYWAY 

SERVICE LINE 


X 

9.9 


























0.9 







1.1 






0.5 







2.3 










0.5 

0.5 





X 


SVC, BURNT HOUSE, NO ODOR 

STL 

GOOD 

FGL 

SKYWAY 


COMPLETE 

03/15/19 

7057 CLARK 

SERVICE LINE 


X 

260 








13 


















5.9 







3 













42 










3.5 

2 

1.5 




X 


SVC, BURNT HOUSE, NO ODOR 

STL 

GOOD 

FGL 

CLARK 


COMPLETE 

03/15/19 

1636 FRANKE 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

STL 

GOOD 

FGL 

FRANKE 


COMPLETE 

03/15/19 

6256 PEBBLE LN 

SERVICE LINE 


X 

400 









4.4 
























26.5 






10.5 


3.5 





100 










56.6 

16.4 

40.2 




X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

PEBBLE LN 


COMPLETE 

03/15/19 

6177 SAWMILL 

SERVICE LINE 


X 

0.9 







































5.5 







0.5 
















X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

SAWMILL 


COMPLETE 

03/15/19 

1530 CRYSTAL 

SERVICE LINE 


X 

1.2 






























































X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

CRYSTAL 


COMPLETE 

03/15/19 

6220 FOREST LN 

SERVICE LINE 


X 

3.7 






























































X 


SVC, BURNT HOUSE, NO ODOR 

STL 

GOOD 

FGL 

FOREST LN 


COMPLETE 

03/15/19 

1349 BILLE RD 

SERVICE LINE 


X 

1.2 







































3.4 


1.3 





1.8 
















X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

BILLE RD 


COMPLETE 

03/15/19 

1393 BILLE RD 

SERVICE LINE 


X 

4.9 







































6.3 


1.3 





1.5 
















X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

BILLE RD 


COMPLETE 

03/15/19 

1401 BILLE RD 

SERVICE LINE 


X 

5.7 







































2 


1.3 





1.9 
















X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

BILLE RD 


COMPLETE 

03/15/19 

1461 BILLE RD 

SERVICE LINE 


X 

96 









1 
























1.2 




0.7 


5.9 


1.6 





15.7 







0.7 



2.4 

1.1 

1.3 




X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

BILLE RD 


COMPLETE 

03/15/19 

1480 BILLE RD 

SERVICE LINE 


X 

6.5 







































1.3 


1.2 





1.8 
















X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

BILLE RD 


COMPLETE 

03/15/19 

1495 BILLE RD 

SERVICE LINE 


X 

3.7 







































1.1 







1.7 
















X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

BILLE RD 


COMPLETE 

03/15/19 

1550 BILLE RD 

SERVICE LINE 


X 































































X 


SVC, BURNT HOUSE, NO ODOR 

HDPE 

GOOD 

FGL 

BILLE RD 


PENDING 

04/08/19 

1718 ARANY 

SERVICE LINE 


X 































































30 MIN 


SVC, BURNT HOUSE, NO ODOR 

STL 

GOOD 

FGL 

ARANY 


PENDING 

04/08/19 

1794 EL TORO 

SERVICE LINE 


X 































































30 MIN 


SVC, BURNT HOUSE, NO ODOR 

PVC 

GOOD 

FGL 

EL TORO 


PENDING 

04/08/19 

2221 DE MILLE SS 

SS 


X 































































30 MIN 





FGL 

DE MILLE SS 


PENDING 

04/08/19 

2213 RICHMOND 

SERVICE LINE 


X 































































30 MIN 



HDPE 

GOOD 

FGL 

RICHMOND 


PENDING 

04/08/19 

0 YORK TOWN MNR BLOW OFF 

BO 


X 































































30 MIN 




GOOD 

FGL 

YORK TOWN MNR BLOW 


PENDING 

04/08/19 

6358 LANCASTER HYD 

HYD 


X 































































30 MIN 





FGL 

LANCASTER HYD 


PENDING 

04/08/19 

7057 CLARK 

SERVICE LINE 


X 































































30 MIN 



STL 

GOOD 

FGL 

CLARK 


PENDING 

04/08/19 

6344 CLARK MTRSHOP SINK 

FAUCET 


X 































































30 MIN 





FGL 

CLARK MTRSHOP SINK 


PENDING 

04/08/19 

6344 CLARK HOSE BIB FRONT 

HOSE BIB 


X 































































30 MIN 





FGL 

CLARK HOSE BIB FRONT 


PENDING 

04/08/19 

5240 ROSEHILL 

SERVICE LINE 


X 































































30 MIN 


SVC, BURNT HOUSE 

STL 

GOOD 

FGL 

ROSEHILL 


PENDING 

04/08/19 

820 SUNRIVER 

SERVICE LINE 


X 































































30 MIN 


SVC, BURNT HOUSE 

STL 

GOOD 

FGL 

SUNRIVER 


PENDING 

04/08/19 

840 SUNRIVER 

SERVICE LINE 


X 































































30 MIN 


SVC, BURNT HOUSE 

PVC 

DAMAGED 

FGL 

SUNRIVER 


PENDING 

04/08/19 

841 SUNRIVER 

SERVICE LINE 


X 































































30 MIN 


SVC, BURNT HOUSE 

PVC 

DAMAGED 

FGL 

SUNRIVER 


PENDING 

04/08/19 

0 SUNRIVER BLOW OFF 

BO 


X 































































30 MIN 


BO 



FGL 

SUNRIVER BLOW OFF 


PENDING 

04/08/19 

821 SUNRIVER 

SERVICE LINE 


X 































































30 MIN 


SVC, BURNT HOUSE 

PVC 

DAMAGED 

FGL 

SUNRIVER 


PENDING 

04/08/19 

5550 SKYWAY 

SERVICE LINE 


X 































































30 MIN 


SVC, BURNT BUSINESS 

STL 

GOOD 

FGL 

SKYWAY 


PENDING 

04/08/19 

510 FIR ST 

SERVICE LINE 


X 































































30 MIN 


SVC, BURNT HOUSE 

STL 

GOOD 

FGL 

FIR ST 


PENDING 

04/08/19 

0 BECKER WY BLOW OFF 

BO 


X 































































30 MIN 


BO 



FGL 

BECKER WY BLOW OFF 


































































































































































































































































































